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MAGNER’S UNDERGROUND CONDUIT. 

Patented June 10, 1884. 

(“ A. b.” of the Section’s Classification.) 

This system consists of a conduit constructed of cast iron, terra cotta, 
etc., having a longitudinal slot A' at its top, for the introduction of 
wires or cables. This slot is beveled and made tight by bolts and 
clamps bearing on the inside of the conduit (See Fig. 5.) The joint is 
further secured by suitable packing. 

The wires or cables are supported on insulated rollers, which revolve 
freely on a series of horizontal shafts, suitably supported and arranged 
one over the other. These rollers may be formed in one piece, or may 
consist of a number of independent rollers separated by washers. The 
distance apart of the rollers both horizontally and vertically, is such as 
to prevent contact between the wires or cables, when strained up. 

The Inventor claims that his system provides a conduit applicable 
to all descriptions of wire or cable; which is easy of access for the 
insertion or removal of auy wire or cable, and in which the wires are 
kept taut. 

The Inventor did not submit any plan for manholes, or any arrange¬ 
ment for providing house-to-house supply, nor does he claim any 
method of obviating the etforts of induction. He proposes to lay down 
well insulated wires, as the conduit would be necessarily more or less 
damp. 

After the conduit has been laid and filled with wire, any alteration 
to the system would require that the street should be opened from 
end to end. 
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